. -ft 


§ UCT ATTACH EO 
iftSCfLT TO MEfAL 
JOIST INSIDE 
BATTERY ROOM 


BATTERY ROOM 


PROVIDE HCRS 6 WAX. 8' -0" O.C, 
/& St.lb.MJL bKC AS SHOWN 


4" LTWT. CONCRETE S 
1 1/2" METAL DECK 

POOF sua (iyp) 


9\ I 


1/2 '» THR EADED BOO SET IN FOIL 

e wkOv ram, oTtfflwko 

EQUAL SM8E0 3 t/2" (N CONC. 


FOR FAN HGR'S 
SEE DWG. S-801. 



C AP SCREW, 
© CO? 0F.CK RIB 
(TYP) 



(ALIGN W/HANGERS) 


/ 


HANGER 
(TyPT 


snppiY raicr 


SECTION G-G (sktioh e--e' memo 
c i a 3 4 
sc<u.e in f«f 

TYP. 3 PLACES. 


SWOP CONN 


STAKE. EYg 


SHOP CONN. TO 
CABLE 

£gyip»£NT ^ 


C UT AWAY AQO'L. LENGTH 



3/8'a THREADEO ROD IN FOIL FAST 
' RAwl) OR AP 
1/2' IN CONC. 


EPOXY (3Y RAW.) OR APPROVED EQUAL 
EW3E0 3 


ROOF SLA8 


4" LJWT. CONCRETE SLAB OVER 
I 1/2 METAL OECK (EXIST.) 


SEISMIC BRACING TABLE 


KEY PLAN (MECHANICAL) 

0 2*68 


ASSEMBLY 
WK g (200) 

LOCATION 

DIMENSIONS 

LOOS & CO. 
MODEL f 

A 

L 

HANGE3 

ma 

S9M-1 

EXHAUST FAN 
E?-l & EF-2 

3'- 10" 

5"-0 

3/8" 

A 

S8M-2 

AiR KANOLER 
AC-1 

5'-0" 


1/2" 

A 

SBM-3 

CONDENSER 

3'-io; 

5" -6 

1/2" 

A 

SBD-1 

EXHAUST OUCT 

3-4" 

4"-4' 

3/8" 

A 

SBO-2 

SUPPLY DUCT 

4'-6" 

6-8" 

3/8' 

A 

SBO-3 

SUPPLY OUCT 

5"-9" 

7-3' 

3/8" 

A 



l/2-o / 

WJR. .^EE GL NOTE I. 
7 


SE'SMC BRC. *SS* 
MKl 550-2 


SUPPLY OUCT 
(RECTANGULAR) 



NOTE: 

1. ADDITIONAL LENGTH OF CABLE HAS BEEN ALLOWEO IN OIM. X 
TO PROVIDE FLEXIBILITY OF INSTALLATION. 

EXTRA LENCTHS SHALL BE CUT OFF AT SITE AFTER 
INSTALLATION IS COMPLETE 

2. FOR LOCATIONS OF BRACING. SEE KEY PLAN (MECHANICAL) 

3. BRACING MAY BE ROTATED IN PLAN VIEW BY A MAXIMUM 
ANGLE OF (±) 22.5' TO AVOID INTERFERENCE 

4. ALL CABLE BRC.'S ARE BASED ON PRODUCTS OF LOOS 4: 
CO. .NAPUS. a. APPROVED SUBSTITUTIONS ARE PERMISSIBLE 


SECTION H-H 

o'i a 3 

SC*U£ IH FECI 
(TYP. 2 PLACES) 


J 


FOR SEISMIC 8RC- IN 
OTHER DIRECTION. SEE 
DWG, S-801 


4" LTWT. CONCRETE SLAB OVER 
E XPANSION SHIELD i |/2" METAL OECK (EXIST.' 
©TigES" 



SUPPLY DUCT 

SECTION I-I 



^PBOyOC LATER A L SUPP OR T 
8* PER^NEnT' Sw.vS(*Ll SiCtS) 
TO EXIST. CONC. SLAB. 


SECTION L-I. 


HOT: 

nn stawc wc m arm* 
mcnXp set wc. s-bm. 


NUTS TO 

tin' flSc 

TO EOLftP. 
(TYP) 


DETAILS OF BRACING CABLE 

NJ.S. 


1/2*0 THREADED RQQ SET l? j fQ.j 
EQUAL EM9E0 3 J/2" EN CONC 7 


ROOF SLAB 



MKT SBO-2 
(ALIGN W/HAN 

SEE DETAIL W 
This 0*C 
(TYP) 


GERSX 


/ 

i 


l/2"» 

hgrs 



SECTION F-F 


s . I s i 

1 Ikf !'■ *ih 


(TYP, * PLACES) 


GENERAL NOTES: 


1. HANGERS 4 BRACINGS SxOWN ARE FOR %i*S»K SUPPORT 
AT IHOlCATEO LOCATIONS 

ADDITIONAL HANGERS FOR OuCTSfCRAVtTY SUPPORT) 0 8'~0" 
MAX, SPACING. WITHOUT S&SMsC BPS S>'A|L 0£ PRQV'OEO 
2- ALL CABLES & ATTACHMENTS AS£ Rf/tSS£0 TO LOOS * CvS 
IDENTIFYING NUMBERS, 

EN-ONCER APPROVED ECU*. VA* Bf SU9S?tTUT£D (DP TH35E 
SPECIFIED HEREIN, 
y FOR FURTHER SE<S«IC BRACINGS FOR £OUiP«EN? AC-i. E'~i A 2, 
SEE 0*G S-801 &- S-802 

4, FOR LOCATIONS OF SEISWC BftAtiKC ON ELCC»R<C*. CA0lE 
TRAYS & PENDENT TYPE LiOn'S. SEE 0*0, S-804. 

6 REAO THIS OWC IN CONJUNCTION wTm CwS "S 5-801.80? It 803 

6 DO NOT CUT REBARS wmU ORiLLlNC CONCRETE. 

7. AtL CONCRETE ANCHORS S*AU BE PPOVSOEO Win NyTS 
Sc WASHERS AS REQUIRED 



TiBwminumotJiy 



Ram Communications 
Consultants, Inc. 

10 Meafif&t C«nUr Orh« 
{SCI) «»-»T0 


XENON CO. 


fen (90S) 6J4-72S0 


Wit |T. IM PofV A.«nu« 
p*^aT^i4, h«* J«m«y, OT0S0 
T*«: (900) 733 4445 
fa. (90S) 7S3 444ft 



STANDBY POWgR 
5 WORLD TRADE CENTER 


COMMUNICATIONS 


SEISMIC BI1ACINC 
FOR MECHANICAL EQU1PMENT| 
a DUCTS 


k'".*! «<i a-.* —«'»»•» 

M 


S-603 


WICS41071 


